OF SOUTH CAROLINA

2. The poles or towers supporting the crossing span and the adjoining
span on each side shall be in a straight line, if practicable, shall be securely
set in the earth or in suitable masonry foundations, and shall be so guyed
or braced as to prevent the wires sagging below the clearance hereinafter
specified, and shall be guyed or braced on both sides perpendicular to the
line wires and parallel to the tracks or highways being crossed. No pole
or tower shall be less than twelve (12) feet from the nearest track ex-
cept that at sidings a clearance of seven (7) feet may be allowed, meas-
urement being made from the near rail.
3. The crossing span shall be as short as practicable and in general,
the length of the adjoining span on each side shall not be more than
fifty (50) per cent. of the length of the crossing span.
4-a. Electric light and power wires shall have a clearance of not less
.than thirty (30) feet above the top of rail; Provided, that for trolley con-
tact wires, carrying constant potential direct current not exceeding 750
volts, twenty-two (22) feet may be allowed.
4-b. Electric light and power wires shall have a clearance over high-
ways as follows:
750 volts or less, 20 feet.
750 to 6,600 volts, 25 feet.
Over 6,600 volts, 30 feet.
5. Telegraph and telephone wires and cables shall have a clearance of
not less than twenty-five (25) feet above the top of rail, and shall have
a clearance of eighteen (18) feet over highways.
6. Electric light and power wires shall cross over telegraph and tele-
phone wires, where practicable, and the clearance between the two classes
of wires shall be as follows: For 500 volts or less, not less than four (4)
feet. For 500 volts to 6,600 volts not less than six (6) feet. From 6,600
volts to 44,000 volts, not less than eight (8) feet. Over 44,000 volts, not
less than ten (10) feet.
7. Telegraph and telephone wires shall clear wires of the same class
not less than four (4) feet.
8. Wires and cables shall be attached to their supporting structures in
such manner as that the clearance herein specified shall be maintained un-
der the most unfavorable conditions of temperature and loading.
9. Minimum size of conductors in the crossing spans and adjoining spans
on each side in electric light and power lines shall be as follows: No.
6 B. & S. gauge copper for voltage not exceeding 5,000 volts; No. 4 B. & S.
gauge copper for voltage exceeding 5,000 volts; No. 1 B. & S. gauge alumi-
num for all voltages.
Minimum size of conductors in the crossing spans and adjoining on each
side of telegraph and telephone lines shall be as follows:
For spans 150 feet or less, No.,10 B. W. G. galvanized iron or No. 10
B. & S. hard drawn copper.
For spans 150 feet and over Np. 8 B. W. G. galvanized iron or No. 9
B. & S. hard drawn copper.
10. Wooden poles shall be of selected timber, free from defects which
would decrease their strength or durability, and shall be not less than
eight (8) inches in diameter at the top of electric light and power lines;

RULs]

3013


